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PARTIAL PLAH 75th. FLOOR SOUTH 


BOTTOM OF SUB 22" TO 
TOP OF UPPER BUSWAY 
DROPPED BEAMS NOT SHOWN 
(LOWER THAN SLABS) 


UPPER BUSWAY 154" AFF 

TO BOTTOM. 1».5 TO TOP — , 



REMOVE EXISTING BUSWAY. SEE- 
NOTE #13. OWG E-1. 


BOTTOM OF SLAB 34" TO TOP 
OF LOWER BUSWAY. DROPPED 
BEAMS NOT SHOWN 
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108.51 


SWITCHBOARD 
R 


EXISTING TRANSFORMER 
1500KVH 13.8KV- — 
480/277V (TYP). 


L.IM«R> 1ROU * 4 ! 


LOWER 1600A 
BUSWAY 121" 
AFF TO BOTT. 


SWITCHBOARD 

t 


122" 


EXISTING 480/277Y 
SWfTCHBOARO (TV?). 


MOTES: 

1. SEE DRAWING E-1 FOR GENERAL K3TES. 
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EDWARDS and ZUCK, P.C. 



31312 

Him 
warn 


1_L_L 


LOW VOLTAGE DttTMUTION 

ONE WTC 

ELECTRICAL 
79IM PtOOt 

SOUTH WDE 
EXI8TMG ROOM LAYOUT 


Trat dnwng MAjict to contfUons in contract. 
AJt wwMttkMi*) kt#cw. dMiono or*d (TMthOtiS 
htntn or* n w n-d to Port Authority ond 
mmf not ba laed dthout **• wttton conaant 
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